218                           SEWAGE SLUDGE

TABLE XIV

SUSPENDED MATTER, IN SEWAGE AND EFFLUENT

*
	Parts pe
	r million


	Entering sewage
	Tank effluent

Unfiltered: Total
	646-912
	493-571

Loss on ignition ...........
	323-464
	175-232

Filtered: Total . . . ......... ...
	475-537
	448-510

Loss on ignition       . .
	174-199
	126-173


	
	

In Tank A, 70 per cent, of the total suspended matter and 70
per cent, of the suspended organic matter received during 6 1/4
years were deposited, and of this 82 per cent, of the total and 88
per cent, of the organic suspended matter were destroyed.
Again; during a period of 4 1/2 years, 66 per cent, of the total
suspended matter and 66 per cent, of the suspended organic
matter were deposited, and of this about two-thirds of the total
and 80 per cent, of the suspended organic matter were destroyed
by digestion. The period of sedimentation averaged in the first
case, about 12 hours, and in the second case, 15 hours.
In Tank G, in which the period of sedimentation was about 6
hours, 60 per cent, of both the total and organic suspended
matter was deposited.
In Tank H, with 18 hours' storage, 75 per cent, of the total and
78 per cent, of the suspended organic matter were deposited,
while 84 per cent, of the total and 90 per cent, of the organic
matter which deposited were destroyed.
In Tank F, which received a sewage with about 50 per cent,
more suspended matter than Tank A, and more than twice that
of Tanks G and H, 76 per cent, of the total and 82 per cent, of the
organic suspended matter were deposited, while of this, 71 per
cent, of the total and 86 per cent, of the organic matter were
destroyed.
Tank B received a sewage about 10 times as strong as G and H.
Here 82 per cent, of the total and 84 per cent, of the organic
suspended matter were deposited, and 74 per cent, of the total
and 82 per cent, of the organic suspended matter in this were
destroyed.